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ABSTRACT 


Power Quality (PQ) has been a source of concern for utilities at all 
levels of consumption. Power electronic gadget development has had 
a significant influence on the quality of electric power supply. The 
functioning of nonlinear loads creates harmonics, which degrades the 
distribution system's quality. In such instances, both utilities and end 
consumers of electric power are becoming more worried about power 
quality. This implies that just a few steps must be made in order to 
enhance power quality. The primary emphasis of this study is on 
UPQC, which is a mix of series and shunt active power filters. The 
series APF reduces voltage-based distortions, while the shunt APF 
reduces current-based distortions. UPQC reduces voltage and 
current-based aberrations simultaneously and independently. UPQC 
enhances power quality by correcting for both harmonics and load 
current, resulting in sinusoidal source current and load voltage at the 
appropriate voltage level. MATLAB/Simulink was used to simulate 
the series APF, the shunt APF, and the UPQC. 
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Distortion 


1. INTRODUCTION: 

Today power quality has become the most vital factor 
for both suppliers and customers due to the 
deregulation of the electric power energy market. 
Efforts are being made to improve the power quality. 
Power electronic valves are the basis of those custom 
power devices such as the state transfer switch (STS), 
active filters and converter based devices (Awad et 
al., 2003). The active filter technology is now mature 
for providing compensation for harmonics, reactive 
power, and/or neutral current in ac networks. Active 
Filters are also used to eliminate voltage harmonics, 
control terminal voltage, reduce voltage flicker, and 
improve voltage balance in three-phase systems 
(Bhim Singh et al.,1999). The reactive power control 
theory for three-phase systems with or without neutral 
wire, is valid for both steady state and transients 
(Akagi et al., 1983). 


A SPLL model uses a lag or lead loop controller in 
order to analyse the system performance and filtering 
characteristics, these characteristics are analysed by 
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the use of bode diagrams and root-locus methods. The 
practical aspect of the SPLL (S. R. Naidu et al., 2004) 
implementation has also been discussed. The 
operating principle and design considerations of a 
SPLL under practical conditions are voltage 
unbalance, voltage harmonics, frequency change, 
phase jumps and sampling delay. A series active 
power filter working as a sinusoidal current source, is 
considered in phase with the mains voltage. The 
amplitude of the fundamental current in the series 
filter is controlled with the help of error signal 
generated between the load voltage and a pre- 
established reference. The control provides the 
effective correction of power factor, harmonic 
distortion, and load voltage regulation (Juan W. 
Dixon et al., 1997). DVR principles and voltage 
restoration methods at the point of common coupling 
(PCC) were analysed with different voltage injection 
methods (ChellaliBenachaiba et al., 2008). Dynamic 
voltage controller with hysteresis controller was 
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analysed using discrete Fourier transform (DFT) 
scheme for sag and swell detection. (F.A.L Jowder et 
al., 2007). 


A control algorithm for the dynamic voltage restorer 
(DVR) is used to mitigate the power quality problems 
in terminal voltage. Two PI (proportional integral) 
controllers are used each to regulate the dc bus 
voltage of DVR and the load terminal voltage 
respectively (Bhim Singh et al., 2011). The 
fundamental component of the terminal voltage is 
derived using the synchronous reference frame 
theory. A three-phase Series Active Power Filter is 
modelled as Power Quality Conditioner using a 
simplified control algorithm. Series APF compensates 
supply voltage unbalance and harmonics in such a 
way that they do not reach the load end resulting in 
low THD at the load voltage (M. A. Chaudhari et al., 
2012). 


The instantaneous reactive power theory, also known 
as p—q theory based on a new control algorithm is 
analysed for 3-phase 4-wire (Mehmet Ucar et al., 
2008) and 4-leg shunt active power filter (APF) to 
suppress harmonic currents, compensate reactive 
power, neutral line currents and balance the load 
currents under unbalanced non-linear load and non- 
ideal mains voltage conditions. 


Unified Power Quality Conditioner (UPQC), is an 
amalgamation of series APF and shunt APF. A 
control strategy based on unit vector template is 
explained in this paper with the focus on the 
mitigation of voltage harmonics present in the utility 
voltage (V.Khadkikar et al., 2006). The steady state 
analysis of unified power quality conditioner (UPQC) 
was performed. The mathematical analysis is based 
on active and reactive power flow through the shunt 
and series APF, wherein series APF can absorb or 
generate the active power whereas the reactive power 
requirement is totally handled by shunt APF. 


The UPQC (Yash Pal et al., 2011) is realized by 
integration of series and shunt active power filters 
(APFs) sharing a common dc bus capacitor. The 
shunt APF is realized using a three-phase, four leg 
voltage source inverter (VSI) and the series APF is 
realized using a three-phase, three legs VSI. 


2. Unified Power Quality Conditioner (UPQC): 

The Unified Power Quality Conditioner (UPQC) is a 
multifunctional power conditioner that may be used 
to adjust for several power source voltage 
disturbances, voltage variations, and to prevent 
harmonic load current from entering the power 
system. It is a specialised power gadget intended to 
reduce the effects of disturbances on the performance 
of sensitive loads. UPQC is made up of two voltage- 


source inverters with a common dc connection that 
may be single-phase, three-phase three-wire, or three- 
phase four-wire [2]. In the series active power filter 
(APF), one inverter is controlled as a variable voltage 
source, while another inverter is controlled as a 
variable current source in the shunt active power filter 
(APF). The Active Filter in series adjusts for voltage 
supply irregularities (e.g., including harmonics, 
imbalances, sag, swell, flickers, negative and zero 
sequence components). The shunt filter adjusts for 
load current distortions (such as those generated by 
harmonics or imbalances), reactive power, and dc link 
voltage control. 


3. CUSTOM POWER DEVICES 

The introduction of power electronic loads has raised 
much concern about power quality problems caused 
by harmonics, distortions, interruptions, and surges. 
The use of electronic devices increases the power 
quality problem Equipment such as large industrial 
drives (e.g., cycloconverters) generate significantly 
high voltage and current (inter-, sub-) harmonics and 
create extensive voltage fluctuation. The addition of 
electronic devices is addition to power quality 
problem. 


The application of harmonic filters and SVCs to 
radial transmission systems can offer partial solution 
to high THD levels and voltage fluctuations. Yet, the 
lack of dynamic capabilities of these devices limits 
them to bulk correction. In addition, they might be 
effective in one application but fail to correct other 
power quality issues. 


Hingorani introduced the concept of custom power as 

the solution to V, P, and Q (voltage, active power, 

reactive power) compensation and power quality 

problems at the expense of high cost and network 

complexity. As FACTS controllers improve the 

reliability and quality of power transmission by 

simultaneously enhancing both power transfer 

capacity and stability custom power devices enhance 

the quality and reliability of power delivered to the 

customer. With a custom power device, a customer 

(e.g., a sensitive load) will be able to receive a 

prespecified quality of electric power with a 

combination of specifications including but not 

limited to: 

> Magnitude and duration of over and under 
voltages with specified limits, 

> Low harmonic distortion in the supply, load 

voltages, and currents. 

Small phase imbalance, 

Low flicker in the supply voltage, 

Control of power interruptions, and 

Control of supply voltage frequency within 

specified limits. 


VVVV 
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Classification of Custom power devices are based on 
their power electronic controllers, which can be either 
of the network reconfiguration type or of the 
compensation type. The network reconfiguration 
devices also called switchgear include the solid state 
and or static versions or current limiting, current 
breaking, and current transferring components. The 
compensation type custom power devices either 
compensate a load (e.g., correct its power factor, 
imbalance) or improve the quality for the supply 
voltage (e.g., eliminate its harmonics). They are either 
connected in shunt or in series or a combination of 
both. Custom power devices are classified as follows: 
> Network — reconfiguration custom power devices 
include 
> Solid state current limiter (SSCL), 
> Solid — state breaker (SSB), and 
> Solid state transfer switch (SSTS) Compensation- 
custom power devices include 
Distributions STATCOM (DSTATCOM), 
Dynamic voltage restorer / regulator (DVR), and 
Unified power quality conditioner (UPQC). 
Custom power devices are designed to improve 
the quality of power at their point of installation 
of the power distribution system. They are not 
primarily designed to improve the power quality 
of the entire system 


3.1. UPQC Components: 

The series inverter (voltage-source inverter) is linked 
in series with the AC line through a series transformer 
and works as a voltage source to alleviate voltage 
aberrations. UPQC reduces supply voltage flickers 
and load terminal voltage imbalances. Pulse width 
modulation is used to control the output of a series 
inverter (PWM). Because of its simplicity of 
implementation, hysteresis band PWM is the most 
often utilised PWM technology. In addition to 
providing a quick answer, the approach does not need 
any understanding of system characteristics. The next 
sections go through the specifics of the hysteresis 
control approach. Shunt inverter: A voltage-source 
inverter linked in shunt with the same alternating 
current line that functions to negate current 
distortions, compensate reactive current of the load, 
and increase system power factor. It also regulates the 
DC-link voltage, resulting in a considerable decrease 
in DC capacitor rating. The shunt converter's output 
current is adjusted using a dynamic hysteresis band 
by regulating the state of the semiconductor switches 
such that the output current follows the reference 
signal and stays within a predefined hysteresis band. 


VVVV 


DC link capacitor: This capacitor connects the two 
VSIs that are linked back to back. The voltage across 
this capacitor provides self-supporting DC voltage for 
both inverters’ optimal functioning. 


A low-pass filter is employed to attenuate high- 
frequency components of voltages at the series 
converter's output caused by high-frequency 
switching of VSI. 


To absorb waves caused by current switching, a high- 
pass filter is added at the output of the shunt 
converter[4]. 


The required voltage produced by the series inverter 
to maintain a pure sinusoidal load voltage at the 
correct value is fed into the line through these series 
transformers. 


4. SYSTEM DESIGN IMPLEMENTATION: 
As the demand for power is escalating sharply 
countries have started exploring alternating sources to 
match the gap. Besides solar power, wind power is the 
promising option. Due to the research activities fuel 
cells have also attracted global attention. Various 
power quality issues may arise due to integrations of 
renewables with grid composed of more nonlinear 
loads. Two renewable energy sources like wind and 
fuel cells along with a non-linear load were considered 
to be integrated into an electric grid. This chapter 
highlights the mitigation of power quality events by 
incorporating suitable controllers for unified power 
quality conditioner, 


4.1. PROPOSED SYSTEM FOR ANALYSIS: 
Unified power quality conditioning is the matter of 
conditioning the components of the power i.e. Supply 
voltage and Load current. Figure 1 shows the 
Simulink model of UPQC. Table I is utilized for 
modelling of the test system. 


The conditions to satisfy conditioning or modelling 

are as follows: 

> If any fluctuation or harmonics occurs in the 
supply voltage, it should not be affected to the 
load. So, we need to take care of the voltage to be 
sinusoidal and controlled at desired value. 

> If there is anon-linear load at the load side, then it 
consumes non-linear current which leads to non- 
linearity in the grid part and that affects to other 
loads also. So, we need to take care of the current 
to be sinusoidal and to make it like there should 
have minimum amount of THD value. 

> Reactive power to be maintained at zero level at 
Grid point. 


5. RESULTS: 
5.1. SIMULATION RESULTS AND 
DISCUSSION 


Simulation results are presented below for the system 
considered for study. The results obtained with and 
without implementation of UPQC are provided. 
Simulation has been — performed — under 
MATLAB/Simulink environment. The 
MATLAB/Simulink diagram is shown in Figure 5.1. 
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Figure 5.1 MATLAB /Simulink diagram of the proposed system for analysis 
The Simulation Parameters for the | above MATLAB/Simulink diagram is listed in Table 5.1 


Table 5.1 Simulation parameters of the proposed system for analysis 


Simulation Parameters Values 
Grid Voltage (Phase to Phase) in RMS | 440V 
Grid Frequency 50 Hz 
Rating of the Coupling Transformer 3.3kKVA, 1kV/440V 
Non-Linear Load THD = 22.24 % 


> Voltage compensation (Series APF) 

Series Active power filter (APF) is helpful in compensating the voltage, i.e it will calculate the voltage error that 
is present in the grid and how much voltage has to induced in the grid to make the voltage sinusoidal with the 
desired voltage magnitude and frequency.The supply voltage hasto be subtracted by reference voltage (Vabc*), it 
calculates the error in voltage which is then compared with error voltage produced in the lines and then will 
proceed to PWM control to produce the pulses to minimize the error produced by the difference in calculated 
error voltage and produced error voltage. 


> Current Compensation (Shunt APF) 

Current compensation will decide how much current error is present in the grid and how much current has to 
induced in the grid to make the current sinusoidal with desired current magnitude and frequency. The load current 
has to be subtracted by reference currents (labc*) which will be sinusoidal where Id and Iq currents are purified 
by collecting load currents, it will calculate the error in current which is then compared with error current 
produced in 3 lines and then will proceed to PWM control to produce the pulses to minimize that error produced 
by the difference in calculated error current and produced error current. 


> DC capacitor voltage controller 

The DC capacitor voltage has to be maintained at some desired value. The reference value has to be subtracted by 
measured DC voltage and the error has to be minimized to zero by a transfer function and the control signal has to 
be added to Id current. 
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Fig 5.4 
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5.2. TOTAL HARMONIC DISTORTION 


To validate the performance of UPQC, simulations are performed by modeling the test system with 
MATLAB/Simulink. Total Harmonic Distortion is evaluated to verify the performance of designed control 
methods. Fig.5.5 shows supply voltage during harmonic conditions after compensation, the series active power 
filter is responsible in compensating the harmonics. Also shunt active power filter is responsible in alleviating 
current harmonics, fig 5.5 depicts the harmonic spectrum of current harmonics after compensation, and the 
percentage THD is below the harmonic limit imposed by IEEE 519-1992. 
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Fig 5.5 


6. CONCLUSIONS AND FUTURE WORK 

This paper discusses an implementation of series and 
shunt active power filters as UPQC to compensate for 
voltage distortions and for alleviating current 
harmonics. The main focus of this research is to 
provide a method for detection, classification of power 
quality events. The source voltage THD after 
adjustment is well within the IEEE 519 recommended 
level. The modelling of series APF, shunt APF, and 
the UPQC has been completed. To simulate the 
control scheme for series APF, a basic control 
approach called extraction of unit vector template was 
utilised. The reference signals for series APF are 
generated using a phase locked loop (PLL) and a 
hysteresis band controller in this approach. The 
instantaneous reactive power theory was utilised to 
describe the control mechanism for shunt APF. 
According to the simulation findings, UPQC enhances 


power quality of power system by correcting 
harmonic and reactive current of load current, which 
makes source current sinusoidal, and it also makes 
load voltage sinusoidal at needed voltage level by 
compensating with series APF. The THD of the 
source current and load voltage is less than the 
harmonics limit established by IEEE standard 519- 
1992. 


The important contributions of this research work are 

briefed as follows. 

> The Proposed expert system offers a better 
classification in the power quality issues. 

> The UPQC offers a solution to power quality 
problems like voltage imbalances and _ total 
harmonic distortion at the point of common 
coupling. It helps to integrate the renewable 
energy sources effectively with a minimum power 
quality impact. 
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FUTURE SCOPE 

Research is a constant process and opens other venue 
to continue the work. The Further research work may 
be continued in the following areas. 


The other transformation methods like linear, 
Walsh and coordinate methods can _ be 
implemented for pre-processing stage in expert 
system. It can be applied for any industries that 
require power quality monitoring system. 


It can offers a controller that suits to mitigate the 
power quality events that may rise due to the 
introduction of the renewable energy source and 
the nonlinear loads. 


Various evolutionary algorithm can _ be 
implemented for the tuning process of the 
controller implemented in the custom power 
devices. 


At micro grids, the Power quality issues can be 
assessed and mitigated using various energy 
storage systems. 


Energy storage system like super capacitors, fly 
wheel storage systems can be implemented in 
custom power devices to have a_ better 
performance. 
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